EXISTING BUILDING GROUND BUS 


EXISTING FED'IRAL PACIFIC, 160GA ALUM. 
PAIRED PHAS? 8USWAY TO REMAIN. 


ROUTE BELOW EXIST 
WIRING I POUCH 


PZ #6 


5-4" CUTS. 4-500MCU 
Sc 1 - 4/OKCMIL GND WIRE 


CONDUITS TURNING 
OOWH(TVP) 


PE 07 


PE #8 


CONDUITS TURNING 



SUBSTATION ISS-41S 


PARTIAL PLAN 41st. FLOOR SOUTH 


PE #9 


PUUBOX. SIZE AS REQUIRED 
PER CODE 


EXISTING HiCH VOLTAGE 
FEEOER- 


2000A. COPPER FEEDER 
BUSWAY, SEE GENERAL 
NOTE #6. DWG E-l 

TRANSITION BOX 


TIE INTO EXISTING SWITCHBOARD 
BUS. PROVIDE NEW BUS DETAIL 
AS REQUIRED 


r"! 


(2) 90 OFFSETS (DOWN 
!N ELEVATION) 


2000A. COPPER FEEDER 
BUSWAY. SEE GENERAL 
NOTE #6. DWG E-1 


SECURE TO — r— — 
BUILDING \ 
STRUCTURAL \ 
BEAMS. SEE \ 
DETAIL DWG. \ 
j(E-24 3c \ 
ARCH DWGS 


SEE ARCH DWG-S 
FOR ACCESS PANEL 
DETAIL. 


ExtiuNC TRANSFORMER 
I S30KVA 1 3 8KV- 


EXISTING 480/277V 
SWITCHBOARD. 


SECTION A-A 


t >• 


I — I 


NOTES: 

1 SEE DRAWING E-l FOR BUSWAY SCHEDULE & GENERAL NOTES 

2 TRANSFORMERS «c SWITCHBOARDS WILL BE LIVE DURING INSTALLATION 


SEE RISER DRAWING E-9 It 
DWG E-8 FOR CONTINUATION 

UP TO CABLE SUPPORT 
BOX ON 45TH FLOOR 

S-4" CONDUITS, 4#500KCMH & 
l#4/0 GND WIRE 

TO RESPECTIVE CABLE 
TOP BOX -~ - 


5 


CABLt SUPP0R1 
BOX, NEMA TYPE 4. 
3ff"X3S"X16TD WITH 
COVERS OH FRONT 
AND 9ACK 


5-4' CONDUTTS. 4J500KCMH ft 
l#4,'0 GND WIRE 


SECTION B-B 


SEE RISER DWG 1-9 & 
OWG E-8 FOR CONTINUATION 


KINOORF 

PANEL 

SUPPORT 


EXISTING - 
CONDUITS 
TO REMAIN 



NEW 4" 

CONDUITS 


K1ND0RF 

PANEL 

SUPPORT 


15KVA FLOOR 

MOUNTED 

TRANSFORMER 


SECTION C-C 


Shaft & 

ELEC CL 
AREAS 

EZZSL 


ONE WORLD 
IEAQ£ 

(TOWER A) 


TWO VKfflLO 
(TOWER B) 


t 


SS-4IS 


WORK AREA KEY PLAN 


Sheet 


2.4- 


ot 



(ELTORfffiKkD 
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Title 

LOW VOLTAGE DISTRIBUTION 

ONE WTC 

ELECTRICAL 
418T FLOOR 

SOUTH SIDE 
BUS & RISER CABLE LAYOUT 
(SUBSTATION SS-41S1 


Iftis d'OMvx) suCi«i to <,<y»a»l*x>$ 'A enoVoi 
All inventions. >(J«3S <j«i«f*5 antf rrtfihoa 
herein of? reserved to fail Auirw>!y ar 


3!? 3 0/4/ 


Control' NumW 0»?) «..'•.:< 

WTC-804.041 E-7 


H-278-3 


